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passing of the oil through the filter also gives it a thorough
cleaning. While the oil is being heated, both valves F are
opened to permit steam to pass through the coil in the steril-
izer, and after this has been done, these valves are closed and
both valves G are opened to allow cold water to flow
through the coil, thus cooling the oil for subsequent use.
Circulation of the oil through the filter and sterilizer is con-
tinued while it is being cooled.
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Fig, 5.    Diagram showing Arrangement of Filter, Pump and
"   Sterilizer as applied in Central Station  Practice
Effective Sterilization. The systems of filtering and dis-
tributing oil described can be highly endorsed, but whether
the system of sterilization is effective is a question. In or-
der to sterilize effectively there are two points that must
receive careful attention, i. e., all the bacteria must be killed,
after which the sterilized oil must be placed in a container
which has also been sterilized in order to keep it free from
germs. Even though the temperature of 140 degrees is high
enough to insure the killing of all bacteria in the oil, it is
doubtful whether this would be permanently effective,
owing to the fact that the sterilized oil is circulated through